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STROBE CRCUnVLOADMQ TABLE 

STROBE TYPE 
AND 
RATING 

TYPE 


CURRENT PER 

Cttcurr 

(WPS) 

ORCWT 
LENGTH 
(FT) 

AMPS (A) 

o.oe 

quantities 

OF 
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PER 
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STR -A 
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0.40 
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■ TYPE OF CABLE 
2 #14 AWC. 20CTC. 600V SHCLOEO TWISTEO PAS TEFLON 
CABLE. CLASS T 4 BSA APPROVEO N.Y.C FOR LOCAL LAW #5. 

2 #14 AWC. 20CTC, 60CV UNSHIELDED TWISTED PAIR TEFLON CABLE, 
CLASS ANO BSA APPROVED N.Y.C. FOR LOCAL LAW #5. 


ALO LOOP DEWCE ADDRESS; FIRST THREE WOT REPRESENT NETWOfflC/lJOOP 
ADDRESS (AS DIRECTED BY ENGINEER). ANO LAST THREE OKXt REPRESENT 
DEVICE ADDRESS. 

FLUSHED MOUNTED STROBE WHEOOCK. CANOELA RATlNC AS INDICATED. 

MODEL # ANO ORDER AS FOLLOWS: 

ISeJ - RSS-2415W-FR 

30ed - RSS-2430W-FR 

7Scd - RSS-247SW-FR 

NO SUBSTITUTIONS, 

POLARIZED ELECTRONIC HORN PrROTROMCS MODEL SEA-3. NO SUBSTITUTIONS, 

ADDRESSABLE PULL STATION, PYROTROMCS MOOEL 0MS1-CS2 METAL. 
SURFACE MOUNTED, BACKBOX US-S8 CLASS E WITH NYC WHITE STRtf-. 
NO SUBSTITUTIONS. FURNISXEO BY POKT AUTHORITY. 

WALL MOUNTED SQUARE SPEAKER, YiWEELOCK MOOEL #£70-fi 

MThOUT suBsmmoN. tap setdnc as m>cated. 

WTH BACK BOX fSBS 

ADDRESSASlE IONIZATION KCH VELOCfrr SMOKE DETECTOR PTROTRONICS 
MODEL #FP-11 WITH BASE #DB-U. NO SUBSTITUTIONS. FURNISHED AW) 
INSTA LL ED BY CONTRACTOR. 

OPEN AREA HEAT DETECTOR - RATE COMPENSATXW - 200T PYROTRON£S 
MOOEL #0T-20OCL NO SU9STITUTI0NS. FURNISHED AXD INSTALLEO BY 
CONTRACTOR. 

PYROrROMCS MOOEL Tft-BSO DUAL ADDRESSABLE INTERFACE SWTCH MOOULE 
MOUNTED W 6* x 6" x 4" fULLBOX. FURWSHED ANO INSTALLED BY CONTRACTOR. 

ENO OF UNE (1/2 WATT 24K V.OJH.) SESfflTOR. FURNISHED **0 INSTALLED 
BY CONTRACTOR. 

SQUARE PULL BOX 4 11/1(T - UMLESS OTKERWSE NOTED. 
EXISTING TERMINAL STRIP CABC«£I 
EXSTtNC AODRESSABLE TERUiNAL CABINET 


RRS Kmt (PA) NOTES; 

1. ALL FIRE ALARM CABLES SHALL BE TYPE FPlP-UL TWISTED PAiR *14 
GAUGE SOUO COPPER(U.OiX 2CCC. 600V. SHIELDED (EXCEPT FOR 
SPEAKERS WKXX USE UNSKCLOEO). INSULATED CONDUCTORS CLASS "E* 
BSA AND MEA APPROVED FOR NYC LOCAL LAW #5 FEP {TEFLON OR 
AKrHOVEO EOUAL) INSULATION, AND CONDUCTORS COLOHEO BLACK ANO 
RE^. ALL CABLES TO BE FURNISHED ANO INSTALLED BY THE CONTRACTOR. 

2. ALL CONDUCTS SHALL BE RKSO STFU W UP<D CALVAWZED WITH 
THREADED FITTINGS, UNLESS OTNERATSE NOTED. 

3. ALL RACEWAY. ENCLOSURES AND BOXES StiMl. BC GROUNDED IN AN APPROVED 
MANNER. 

4. CROU>» 8USHMC SHALL BE INSTALLEO ON fiX CONDUITS PENETRATINC 
ENCLOSURES. 

5. ALL PENETRATIONS MADE W EXJSTmC FlRE MRU EOUPWEnT SHALL BE WOE 
IN PRESENCE OF THE ENGINEER. 

6. SHAPING AND LABELING OF CABLES AT INTERFACE. XNET, TSC. ATC AND NTC 
CASKETS WILL BE PERFORMED BY THE CONTRACTOR. TKS WORK SHALL BE DONE 
IN PRESENCE OF THE ENGINEER. FINAL CONNECTIONS TO INTERFACE. XNET. TSC. 
ATC AND NTC CASKETS WtLL BE MADE DY OTHERS. 

7. PATCH ANO SEAL ALL CONDUITS PaSSSM THRU WALLS. FtftE RATEO CONSTRUCTION 
ANO PLENUMS WITH THERMAFIBER OR IPCC FIAWE-SAFE. 

8. TEST ALL REELS OF FiRE ALARM CABLE FOR CONTINUITY AM) SHORTS. PRXW TO 
INSTALLATION. 

9. CONTRACTOR SHALL USE BRADY LABELS #*ML-20&-292-1 FOR LaBEUNG OF ALL 
CONDUCTORS. 

10. ALL BOX COVERS, CONOULET COVERS. ETC. SHALL 8£ PAWTEO RED. USE 2* 
STEWX AND WHITE PAWT ON ALL COVERS IM>CaTINC '5" FOR 5 WTC SYSTEM 
DESIGNATION. 

1 1. CONTRACTOR SHALL PERFORM PROCRAWNC OF ALL ADDRESSABLE OEWCES, FINAL 
CONFIGURATION OF ADDRESSES SKILL £E AS OlRECTEO BY THE ENGINEER. PROS 
TO PROGRAMMING DEVICES. 

12. FINAL CONNECTIONS TO THE BULKHEAD FRE ALARM AM) TSC WUL BE MADE BY 
OTHERS. CONTRACTOR TO LEAVE 5" COO. OF CABLE INSIDE THE TSC CABINET. THIS 
WORK SHALL BE CONE IN PRESENCE OF THE ENGINEER. 
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SECURITY ttffiM NOTES; 

51. FOR GENERAL NOTES AND SYMBOL LIST SEE DRAWING £0-01. 

52. ALL SECURnY RACEWAY INSTALLATION SHALL BE COORDINATED WITH THE PX 

53. CONTRACTOR TO OBTAIN FROM THE PA DEVICE OUTLET BOXES FOR VARIOUS TYPE 
OF SECURITY DEVICES DEVICE OUTLET SMAU MEET THE REQUIREMENTS OF DEVICE 
TO BE NSTALLED. 

54. ELECTRICAL CONTRACTOR SKU1 FURNISH AM> INSTALL ALL EMPTY COKOUTS WITH 
DRAO WIRE. TERMINATE ALL COKOUTS AT DEVICE OUTLET BOXES, CORROWATE LOCATION 
WITH NSTAUATMN ORAWMCS TVP1CM. FOR ALL DEVICES. 

S3. TERMWHE EMPTY CONDUIT AT •jOCATJON OF OUTLET BOX. PROXftOTY READER OUTLET 
80X(MC) LOCATION AT 36* AFF. ROUTE CONOUrT TO JUNCTION BOX ABOVE DOOR. 

S«. TERMINATE EMPTY CONOWT AT LOCATION w OUTLET BOX. WTERCOM STATION OUTLET 
80X(N3C) LOCATION AT W AFF. ROUTE CONOWT TO JUNCTION BOX ABOVE DOOR. 
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